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261 

1232620 

0151027 

71084-100 

No. 16 

Water Service Map No. 16 

4/11/1973 

12 

C.l. 

Domestic 

Active 


1802217 

6437822 

World Way W 




261-A 


0151027 

71084-100 

No. 16 

Water Service Map No. 16 

4/11/1973 

10 


Domestic 

Active 








261-B 


0151027 

71084-100 

No. 16 

Water Service Map No. 16 

4/11/1973 



Domestic 

Active 








300 














World Way W 




301 














World Way W 



CNTR-DW-1 

302 

2737004 

0151027 

71084-100 

No. 16 

Water Service Map No. 16 

4/11/1973 

6 

Cl. 

Domestic 

Active 

Gate 

1802284 

6438161 

Center Way 

P3 

Appears to be within the parking 
garage structure P3. 

CNTR-DW-2 

303 

2440685 

0026514 

71084-100 

No. 16 

Water Service Map No. 16 

4/12/1973 

6 

C.l. 

Domestic 

Active 

Gate 

1802282 

6438309 

Center Way 

P3 

Appears to be within the parking 
garage structure P3. 

CNTR-DW-3 

304? 

4270401 

0026514 

82011-435 

C-11 (SH#14) 

Parking Structures 31 & 311 

9/8/1982 

6 

c.l. 

Domestic 

Abandoned 

Gate 

1802302 

6438493 

Center Way 

PE-E 

Parking lot east of parking garage 
structure P3. 

CNTR-N-DW-1 


23700646 


Unknown 

SU-M247, SU- 

GllO 

CTA Central Utility 

Replacement Project 

4/1/2012 

12 

Unknown 

Domestic 

Active 

Gate 

1802350 

6438875 

Center Way N 

CUP-N 

LAWA AEGIS map shows a 
domestic water valve here, but 
can't find as-built drawing. 

CNTR-S-FW-Ml 















Center Way S 



CNTR-S-FW-M2 















Center Way S 



CNTR-S-FW-M3 















Center Way 5 



CNTR-S-FW-M4 


23700655 













Center Way 5 



WRLD-W-DW-1 


Incorrect 

Datalink 

2024011 

82011-435 

C-9 (SH#12) 

CTA Central Utility 

Replacement Project 

4/1/2012 

12 

C.l. 

Domestic 

Active 

Gate 

1802425 

6437968 

World Way W 

P3 

Northwest corner from P3 
parking structure. 

WRLD-W-DW-2 


2441281 

2024011, 

0026513 

82011-435 

C-10 (SH#13) 

Parking Structures 31 & 311 

9/8/1982 

10 or 12 
(conflicting 

C.l. 

Domestic 

Active 

Gate 

1802245 

6437967 

World Way W 

P3 

Southwest corner from P3 
parking structure. 

WRLD-W-DW-3 


Incorrect 

Datalink 

2024011 

82011-435 

SU-G108 

CTA Central Utility 

Replacement Project 

9/8/1982 

12 

C.l. 

Domestic 

Active 

Gate 

1802199 

6438006 

World Way W 

P3 

Southwest corner from P3 
parking structure. 

WRLD-W-FW-1 


0135616, 

0116834 

2024011 

93022-446 

Ul, U2 

Seismic Retrofit - Second Level 
Roadway Underground 

Utilities 

12/31/1993 

10 

Unknown 

Fire 

Active 

Gate 

1802428 

6437968 

World Way W 

P3 

Northwest corner from P3 
parking structure. 

WRLD-W-FW-2 


1681732 

2025106 

Job No. 

12335.2600 

T4C-C01.08 

Terminal 4 TBIT Connector 
(24" Fire Water Plan and 
Profile) 

1/20/2014 

Unknown 

Unknown 

Fire 

Active 

Gate 

1801766 

6438041 

World Way S 

P4 

Valve to hydrant 

WRLD-W-FW-3 


31236851 

0083280 

79100-446 

FP-204 

Second Level Roadway Project 
Fire Protection Lower Level 

11/30/1981 

8 

Unknown 

Fire 

Active 

Gate 

1801746 

6438039 

World Ways 


Main control valve for a series of 
fire hydrants near bridge pier 
(P133). 

WRLD-W-DW-Ml 


2440685 

2441307 

0026514 

0030550 

71084-100 

82001-600 

No. 16 

C-14.2 

Water Service Map No. 16; 
West Terminal and Aircraft 
Apron Water Distribution Plan 
STA 34+00 to STA 44+00 

4/12/1973 

2/3/1982 

12 

Unknown 

Domestic 

Active 

Gate 

1802217 

6437822 

World Way W 

TBIT 

Valve is located on the eastern 
side of the TBIT building. 

WRLD-S-FW-2 


2620201 

0083283 

79100-446 

FP-205 

Second Level Roadway Project 
Fire Protection Lower Level 
(Sheet 4) 

11/30/1981 

8 

Unknown 

Fire 

Active 

Gate 

1801788 

6438378 

World Ways 

P4 

Main control valve for a series of 
fire hydrants near bridge pier 
(P137). 
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WRLD-S-FW-3 


2440714 

2025106? 

Not correct 

79100-446 

FP-205 

Second Level Roadway Project 
Fire Protection Lower Level 
(Sheet 4) 

11/30/1981 

6 

Unknown 

Fire 

Active 

Gate 

1801788 

6438407 

World Way S 

P4 

Valve to hydrant northeast of 
bridge pier (P137). 

WRLD-S-FW-4 


2619619 

0083283 

79100-446 

FP-205 

Second Level Roadway Project 
Fire Protection Lower Level 
(Sheet 4) 

11/30/1981 

8 

Unknown 

Fire 

Active 

Gate 

Unknown 

Unknown 

World Ways 


Main valve control a series of fire 
hydrants near bridge pier (P141). 

WRLD-S-FW-6 


1013610 

0083283 

79100-446 

FP-205 

Second Level Roadway Project 
Fire Protection Lower Level 
(Sheet 4) 

11/30/1981 

8 

Unknown 

Fire 

Active 

Gate 

1801872 

6439091 

World Way S 

P6-SW 

Main control valve for a series of 
fire hydrants near bridge pier 
(P146). 

WRLD-S-FW-7 


2620210 

0083283 

79100-446 

FP-205 

Second Level Roadway Project 
Fire Protection Lower Level 
(Sheet 4) 

11/30/1981 

8 

Unknown 

Fire 

Active 

Gate 

1801913 

6439424 

World Way S 

P6-SE 

Main control valve for a series of 
fire hydrants near bridge pier 
(P150). 

WRLD-S-FW-M3 


3100639 

0135619 

93022-446 

U4 

Seismic Retrofit - Second Level 
Roadway Underground 

Utilities 

12/31/1993 

10 

C.l. 

Fire 

Active 

Gate 

1801936 

6439589 

World Ways 


New valve south of Theme 
Building. 

WRLD-S-DW-Ml 

307 

2440712 

0151027 

71084-100 

No. 16 

Water Service Map No. 16 

4/11/1973 

6 

C.l. 

Domestic 

Active 

Gate 

1801792 

6438370 

World Ways 

P4 


WRLD-S-DW-1 

308 

2440711 

0151027 

71084-100 

No. 16 

Water Service Map No. 16 

4/11/1973 

6 

C.l. 

Domestic 

Active 

Gate 

1801795 

6438367 

World Ways 

P4 


WRLD-S-FW-M2 

310 

2440966 

0151027 

71084-100 

No. 16 

Water Service Map No. 16 

4/11/1973 

10 

C.l. 

Fire 

Active 

Gate 

1801755 

6438044 

World Ways 

P4 


WRLD-S-FW-Ml 

311 

1681605 

0151027 

71084-100 

No. 16 

Water Service Map No. 16 

4/11/1973 

10 

C.l. 

Fire 

Active 

Gate 

1801751 

6438041 

World Ways 

P4 


WRLD-S-FW-1 

312 

2440965 

0151027 

71084-100 

No. 16 

Water Service Map No. 16 

4/11/1973 

10 

C.l. 

Fire 

Active 

Gate 

1801755 

6438044 

World Ways 

P4 


WRLD-N-FW-1 

313 

3096602 

0151027, 

0026513 

71084-100 

No. 16 

Water Service Map No. 16 

4/11/1973 

10 

C.l. 

Fire 

Active 

Gate 

1802461 

6437962 

World Way N 



WRLD-N-FW-Ml 

314 

3096601 

0151027 

71084-100 

No. 16 

Water Service Map No. 16 

4/11/1973 

10 

C.l. 

Fire 

Active 

Gate 

1802463 

6437960 

World Way N 



WRLD-N-FW-M2 

315 

3096603 

0151027 

71084-100 

No. 16 

Water Service Map No. 16 

4/11/1973 

10 

C.l. 

Fire 

Active 

Gate 

1802463 

6437964 

World Way N 




316 

1681701 

0151027, 

0135616 

71084-100 

No. 16 

Water Service Map No. 16 

4/11/1973 

10 

C.l. 

Fire 

Active 

Gate 

1802471 

6438044 

World Way N 


Valve to hydrant 


317 

2440682 

0151027, 

0135616 

71084-100 

No. 16 

Water Service Map No. 16 

4/11/1973 

10 

C.l. 

Fire 

Active 

Gate 

1802520 

6438461 

World Way N 


Valve to hydrant 

WRLD-S-FW-5 

318 

3100648 

0151028 

71084-100 

No. 17 

Water Service Map No. 17 

4/11/1973 

8 

C.l. 

Fire 

Active 

Gate 

1801870 

6438875 

World Way S 

P5-SE 

Main control valve for a series of 
fire hydrants at the perimeter of 
the CUP building. 

WRLD-S-DW-M2 

319 

3100642 

0151028 

71084-100 

No. 17 

Water Service Map No. 17 

4/11/1973 

8 

C.l. 

Domestic 

Active 

Gate 

1801872 

6439048 

World Way 5 

P6-SW 


WRLD-S-DW-2 

320 

3100644 

0151028 

71084-100 

No. 17 

Water Service Map No. 17 

4/11/1973 

10 

C.l. 

Domestic 

Active 

Gate 

1801877 

6439066 

World Way 5 

P6-SW 


WRLD-S-DW-M3 

321 

3100643 

0151028 

71084-100 

No. 17 

Water Service Map No. 17 

4/11/1973 

8 

C.l. 

Domestic 

Active 

Gate 

1801874 

6439070 

World Ways 

P6-SW 



322-A 

3100639 

0151028 

71084-100 

No. 17 

Water Service Map No. 17 

4/11/1973 

10 

C.l. 

Fire 

Active 

Gate 

1801936 

6439589 

World Ways 



WRLD-S-DW-M4 

323 

3100607 

0151028 

71084-100 

No. 17 

Water Service Map No. 17 

4/11/1973 

8 

C.l. 

Domestic 

Active 

Gate 

1801964 

6439775 

World Way S 

Vendor Lot 6 

Valve located between bridge 
piers P39 and P40. 

WRLD-S-DW-M5 

324 

3100608 

0151028 

71084-100 

No. 17 

Water Service Map No. 17 

4/11/1973 

8 

C.l. 

Domestic 

Active 

Gate 

1801964 

6439783 

World Way S 

Vendor Lot 6 

Valve located between bridge 
piers P39 and P40. 
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325 

2441061 

0135619 

71084-100 

No. 17 

Water Service Map No. 17 


10 

C.l. 

Fire 





World Ways 


Can't validate this vaive on any 
other plan. 


326 

2682413 

0081715 

79100-446 

U15 

Los Angeles International 
Airport Second Level Roadway 
Project - Composite Utility 

Plan 

6/5/1981 

10 

C.l. 

Fire 





World Ways 


Can't validate this valve on any 
other plan. Fiowever, it most 
likely is the shutoff valve for the 
fire hydrant. Was able to locate 
the hydrant in the field. 

WRLD-S-DW-M6 

327 

2682426 

0151028 

71084-100 

No. 17 

Water Service Map No. 17 

4/11/1973 

12 

Cl. 

Domestic 

Active 

Gate 

1802035 

6440391 

World Ways 

P7 

Valve located between bridge 
piers P47 and P48. 

WRLD-S-DW-M7 

328 

2682427 

0151028 

71084-100 

No. 17 

Water Service Map No. 17 

4/11/1973 

12 

Cl. 

Domestic 

Active 

Gate 

1802038 

6440419 

World Ways 

P7 

Valve located between bridge 
piers P47 and P48. 

WRLD-S-DW-M8 


2682425 

0151028 

71084-100 

No. 17 

Water Service Map No. 17 

4/11/1973 

12 

Cl. 

Domestic 

Active 

Gate 

1802083 

6440814 

World Ways 


Valve located between bridge 
piers P52 and P53. 

WRLD-S-FW-M4 

329 

2732408 

0151028 

71084-100 

No. 17 

Water Service Map No. 17 

4/11/1973 

10 

Cl. 

Fire 

Active 

Gate 

1802082 

6440827 

World Ways 


Valve located between bridge 
piers P52 and P53. 

WRLD-S-FW-M5 

330 

2682424 

0151028 

71084-100 

No. 17 

Water Service Map No. 17 

4/11/1973 

10 

Cl. 

Fire 

Active 

Gate 

1802083 

6440835 

World Ways 


Valve located between bridge 
piers P52 and P53. 

WRLD-S-FW-8 

331 

3100212 

0151028 

71084-100 

No. 17 

Water Service Map No. 17 

4/11/1973 

10 

Cl. 

Fire 

Active 

Gate 

1802087 

6440830 

World Ways 


Admin. East Parking Lot (south) 

WRLD-S-DW-3 

332 

3100213 

0151028 

71084-100 

No. 17 

Water Service Map No. 17 

4/11/1973 

4 

Cl. 

Domestic 

Active 

Gate 

1802090 

6440833 

World Ways 



CNTR-N-DW-M4 

353 

4310001 

0151028 

71084-100 

No. 17 

Water Service Map No.17 

4/11/1973 

12 

Cl. 

Domestic 

Active 

Gate 

1802373 

6438902 

Center Way N 

CUP-N 

Located on the north side of the 
CUP building. Noted as being 
located at site after water leak, 
(noted as inside the building on 
Water Service Map). 

CNTR-N-DW-3 

354 

501398 

0020513, 

0151028 

71084-100 

No. 17 

Water Service Map No. 17 

4/11/1973 

8 

Cl. 

Domestic 

Active 

Gate 

1802218 

6439033 

World Ways 

CUP 

Located on the west side of the 
CUP building. 


355 

2974207 

0020513 

5981411 


Airport Traffic Control Tower 
and Admin Base Bldg Utility 
Plan 

11/16/1992 

4 

Cl. 

Domestic 

Active 

Gate 

1802228 

6439011 

World Ways 



CNTR-DW-Ml 


Incorrect 

Datalink 

2024011 


SU-M207 

CTA Central Utility 

Replacement Project 

2/22/2012 

16 

Unknown 

Domestic 

Active 

Gate 

1802208 

6438769 

Center Way 

CUP-NW 

Valve located just northwest of 
the CUP builiding. 

CNTR-DW-M2 


Incorrect 

Datalink 

2024011 


SU-M207 

CTA Central Utility 

Replacement Project 

2/22/2012 

16 

Unknown 

Domestic 

Active 

Gate 

1802213 

6438786 

Center Way 

CUP-NW 

Valve located just northwest of 
the CUP builiding. 

CNTR-FW-1 


23700641 




5th Feeder Site Utilities 

Distribution 

4/1/2012 


D.l. 

Fire 

Active 

Air Vent 



Center Way N 



CNTR-DW-1 






5th Feeder Site Utiiities 

Distribution 

4/1/2012 


D.l. 

Domestic 

Active 

Air Vent 



Center Way N 



CNTR-FW-Ml 


23664650 

No LAWA 

DDMS yet 


SU-M205 

CTA Central Utility 

Replacement Project 

4/5/2012 

24 


Fire 

Active 

Air Release 

1802202 

6438154 

Center Way 

P3 


CNTR-FW-M2 


23664647 

No LAWA 

DDMS yet 


SU-M206 

CTA Central Utility 

Replacement Project 

4/5/2012 

24 


Fire 

Active 

Gate 

1802215 

6438791 

Center Way 

CUP 


CNTR-N-FW-M3 


23664642 

No LAWA 

DDMS yet 


SU-M246 

CTA Central Utility 

Replacement Project 

4/5/2012 

24 


Fire 

Active 

Gate 

1802484 

6439546 

Center Way 

Theme Bldg - 

N 


CNTR-FW-M4 


19546577 

2023138 


ECWE-C401 

5th Feeder Site Utilities 

Distribution 

4/1/2012 

24 


Fire 

Active 

Gate 

1802339 

6440258 

Center Way 

P7 


CNTR-FW-M5 


19546570 

2023138 


ECWE-C402 

5th Feeder Site Utilities 

Distribution 

4/1/2012 

24 

D.l. 

Fire 

Active 

Gate 

1802360 

6441005 

Center Way 

Admin. East- 

S 



3 of 4 










































Los Angeles 
World Airports 


CTA WATER VALVES 


imioiB 



A.K.A. 

LAWA CIS 

DatalInkID 

LAWA GIS 

DDMS 

LAWA 

Drawing No. 

Sheet No. 

Drawing Description 

Drawing Date 

Diameter 

(Inches) 

Pipe 

Material 

Utility Type 

Status 

Valve Type 

Northing 

E.«r„g 

Location 

Building/ Lot 
& Direction 

Comments 

CNTR-N-DW-2 


2440533 

0082860 

79100-446 

U8 

2nd Level Roadway Project 

11/30/1981 

10 

C.l. 

Domestic 

Unknown 

Gate 

6439017 

1802271 

Center Way N 

CUP 


EAST-FW-1 


19546592 

2023138? 



5th Feeder Site Utilities 

Distribution? 

4/1/2012? 

Unknown 


Fire 

Active 

Gate 

1802587 

6439756 

East Way 



EAST-DW-1 


19546593 

2023138? 



5th Feeder Site Utilities 

Distribution? 

4/1/2012? 

8 


Domestic 

Active 

Gate 

1802589 

6439756 

East Way 



EAST-FW-2 


19546590 

2023138? 



5th Feeder Site Utilities 

Distribution? 

4/1/2012? 

12 


Fire 

Active 

Gate 

1802603 

6439853 

East Way 

PI 


EAST-DW-2 


19546589 

2023138? 



5th Feeder Site Utilities 

Distribution? 

4/1/2012? 

8 


Domestic 

Active 

Gate 

1802604 

6439856 

East Way 

PI 


EAST-FW-3 


19546586 

2023138? 


ECWE-C400 

5th Feeder Site Utilities 

Distribution? 

4/1/2012? 

12 

D.l. 

Fire 

Active 

Gate 

1802399 

6439877 

East Way 



EAST-DW-3 


19546585 

2023138 


ECWE-C410 

5th Feeder Site Utilities 

Distribution 

4/1/2012 

8 

D.l. 

Domestic 

Active 

Gate 

1802399 

6439880 

East Way 

PI 


EAST-FW-4 


19546582 

2023138 


ECWE-C400 

5th Feeder Site Utilities 

Distribution 

4/1/2012 

12 

D.l. 

Fire 

Active 

Gate 

1802335 

6439888 

East Way 



EAST-DW-4 


19546581 

2023138 


ECWE-C410 

5th Feeder Site Utilities 

Distribution 

4/1/2012 

8 

D.l. 

Domestic 

Active 

Gate 

1802335 

6439890 

East Way 



WRLD-N-FW-IA 


19546598 

2023138 


ECWE-C403 

5th Feeder Site Utilities 

Distribution 

4/1/2012 

10 

D.l. 

Fire 

Active 

Blow-Off 

1802740 

6441383 

World Way E 


Near Backflow Preventors 

WRLD-N-FW-2A 


19546600 

2023138 


ECWE-C403 

5th Feeder Site Utilities 

Distribution 

4/1/2012 

10 

D.l. 

Fire 

Active 

Blow-Off 

1802745 

6441357 

World Way E 


Near Backflow Preventors 

WRLD-N-FW-3A 


19546599 

2023138 


ECWE-C403 

5th Feeder Site Utilities 

Distribution 

4/1/2012 

10 

D.l. 

Fire 

Active 

Blow-Off 

1802753 

6441357 

World Way E 


Near Backflow Preventors 

WRLD-N-FW-4A 


19546558 

2023138 


ECWE-C403 

5th Feeder Site Utilities 

Distribution 

4/1/2012 

24 

D.l. 

Fire 

Active 

Gate 

1802758 

6441222 

World Way N 



WRLD-N-DW-4A 


19546602 

2023138 


ECWE-C413 

5th Feeder Site Utilities 

Distribution 

4/1/2012 

12 

D.l. 

Domestic 

Active 

Blow-Off 

1802757 

6441253 

World Way N 



WRLD-N-DW-5A 


19546601 

2023138 


ECWE-C413 

5th Feeder Site Utilities 

Distribution 

4/1/2012 

16 

D.l. 

Domestic 

Active 

Blow-Off 

1802753 

6441253 

World Way N 



WRLD-N-DW-6A 


19546557 

2023138 


ECWE-C413 

5th Feeder Site Utilities 

Distribution 

4/1/2012 

8 

D.l. 

Domestic 

Active 

Gate 

1802758 

6441225 

World Way N 



WRLD-N-DAV-1 


NA 

NA 


ECWE-C413 

5th Feeder Site Utilities 

Distribution 

4/1/2012 

16 

D.l. 

Domestic 

Active 

Air Vent 

1802749.70 

6441196.66 

World Way N 



WRLD-N-FAV-2 


NA 

NA 


ECWE-C403 

5th Feeder Site Utilities 

Distribution 

4/1/2012 

24 

D.l. 

Fire 

Active 

Air Vent 

1802748.70 

6441189.53 

World Way N 



WRLD-E-DW-1 

340 

2960012 

0151028 

71084-100 

No. 17 

Water Service Map No. 17 

4/11/1973 

12 

C.l. 

Domestic 

Active 

Gate 

1802661 

6441184 

West of 
Sepulveda 
Interchange 



WRLD-E-DW-2 

338 

2960008 

0151028 

71084-100 

No. 17 

Water Service Map No. 17 

4/11/1973 

4 

C.l. 

Domestic 

Active 

Gate 

1802458 

6441201 

West of 
Sepulveda 
Interchange 


Services the Admin East Bldg 
(Clifton A. Moore Bldg) 

WRLD-E-DW-3 

337 

2682423 

0151028 

71084-100 

No. 17 

Water Service Map No. 17 

4/11/1973 

12 

C.l. 

Domestic 

Active 

Gate 

1802139 

6441247 

World Way E 
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